OR 
REfc All 

BE UOWTED *M SUjWinCD A9CWE 
CONDUffS (UO.N.Y Alt OPD* 
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AWO 80X£S $HAU 8t GROUHDCD W AN APPROVED 


SHAH. BE WSTAULO) ON ALL CONOUHS 


BUUWG SYSTEM FIRE ALARM PANELS W 
^TEL AOORESSABtf DCVICES (SMOKE 
CONTRACTOR. FINAL CONFIRMATION OF A 
Q&Ng&R PRIOR TO PROGRAMMING DEVICES. 


PASSING THRU 
AHO Pl£MMUS WTH TWCRMAFWSR OR tPCC FLA 
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ICfflT^ll RffiS OF FtRE ALARM CA8LE FOR CONTINUITY 
WSttttADO* 

%■ 

Ati BOX COvtRS. COWOULET COWERS. ETC, SHALL 8E P 
SIEHOL ANO mm PAINT ON ALL COVERS INDICATING * 

DESIGNATION. 


UNDER 7»C SWiECTlON OF THE ENGWEER, CONTRACTOR SHALL REMOVE EXISTING 
COUNG SURFACE MOUNTED SPEAKERS AND SMOKE DETECTORS, ONLY AFTER OE\ 
10 BE WStWJLED ARE OPERATIONAL. 

ML EOWPUENT SHOWN 10 BE REMOVED SHALL HAVE ITS ASSOCIATED WIRING 
REMOVED OR ABANDONED AM) TAPED IN PLACE. ENDS OF ABANDONED CABLES 
SHALL BE TAGGED "NOT IN USE*. 

SMOKE OETECTORS ARE REQUIRED AT ALL RETURN AJR CRtLLS IN ACCORDANCE 

with &mm 


IX NOT USED. 


Ml fiNKSHES DtSnjRBEO BY THE 
OR WRING SHALL BE RESTORED 
WSTAUATDN, 

■s 

NOT USED. 
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ALL PRORATIONS MADE IN EXISTING FIRE ALARM EQUIPMENT SHALL BE MADE IN 
THE PRESENCE OF ENGINEER. NO TOP PENETRATIONS SHALL BE MADE IN ANY BRE 
ALARM PANELS. 
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CONTRACTOR SHALL COORDINATE DEVICE PENETRATIONS 
NON-ORYWALL FACED WALLS. 

FWAL CONNECTIONS tN THE TSC ANO ATC CABINETS SH 
CSONMCIOR. THE CONTRACTOR SHALL STRIP. SHRINK, < 
DESIGNATED TERMWALS. THE CONTRACTOR SHALL NOTCH 
P&&BL TO MAJONG FINAL CONNECTIONS. 

CONTRACTOR SHALL USE BRADY LABELS JWML^505^29 
Of ALL CONDUCTORS AND #*ML-305-2§2 (OAE.) FOf 

FK AtARU CABLES SHALL BE TESTED M ACCORDANCE 
SPEOF1CATI0N5, DMSWN 16. SECTION 16910. 


LL CORRSOOR CEIUNG SPEAKERS BETWEEN 
OR TILE. 
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NOT USED. 
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NOT USED. 
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THE CONTRACTOR SHALL LABEL DETECTORS, 
ADDRESS INFORMATION IN THE FOLLOWING I 

soot - xxx 

iOOR - OEVICE 
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HEAVY UNE INDICATES WORK TO BE DONE 

itm m mom ex»$ting Ttymmi 


t NlW^ OF CABLES 


- ' 

ELECTRiC 

END OF tttf <WJ?*^ 
t (0*6VED 

fwealM^ 

FUO<« 
GROUND 

GALVANIZED STEEL CONDUIT * 
MOUNTED 
NOT TO SCALE 
OR APPROVED EQUAL 
PS PULL STATION 
SPKR SPEAKER 
STR , STROBE 
TA TENANT AMPUF!t& 
T8 TERMINAL BLOCK 

TRI INTELLIGENT INITIATING DEVICES 
INTERFACE MODULES 

TYP TYPICAL 

TSC TERMINAL STRIP CABINET 

TSC TERMINAL STRIP CABINET - F 

TSC TERMINAL STRIP CABINET - t 

UO.N. UNLESS OTHERWISE NOTED 

W WATTS 
WJ.C. WORLD TRADE CENTER 
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AREA 


mpt 

ROOM 

SOU*' 

M CftfcUft TO H^iC * 
- mm DETECTORS r 

^ ClffeuiT TO EKTWCAL AND 
, m6»H0NE CL<^ET SMOKE 
DETECTORS 


Mi 


TYPE OF m$t 

STR w ST^SOBE C«CUff 

SPKR - SPEAKER CIROWT 

ACD - AID LOOP DEVICE (EXCEPT 
SMOKE DETECTOR) CIRCUIT 

SD - SMOKE DETECTOR CIRCUIT 


xxx-xxx 
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TYPE OF.<mE 

2 #14 AWG» 20QTC, 600V SHIELDED TWISTED PAIR TEFLON 
CASLE^ CiASS T A BSA APPROVED N.Y.C. FOR LOCAL UW #5. 

2 #14 AWG, 20CTC, eOOV UNSHIELDED TWISTED PAIR TEFLON CABLE, 
OASS V AND BSA APl*ROVED N.Y.C FOR LOCAL LAW #5. 

CEIUNG MOUNTED SPEAKER WITH RANGE FROM V$ TO 2 WATTS AS 
MANUFACTURED BY WHEELOCK #E-90-W. %W' INDICATES % WATTS 
TAP SETTING. «■ 

DEVICE ADDRESS: THE FIRST THREE DIGITS REPRESENT LOOP ADDRESS. 
THE NEXT THREE DIGITS REPRESENT DEVICE ADDRESS. AS DIRECTED BY 
THE ENGINEER. ♦ 

WALL MOUNTED ^SPEAKER' WITH RANGE FROM % TO 2 WATTS AS MANUFACTURED 
BY WHEELOCK #E*-70-R, "VfeW* INDICATES % WATTS TAP SETTING. 

FLUSHED MOUNTED STROBE WHEELOCK. CANDELA RATING AS INDICATED. 

MODEL | AND ORDER AS FOLLOWS: 

15cd - RSS-2415W-FR. 

30cd - RSS-2430W-FR. 

75cd - RSS-2475W-FR. 

110cd - RSS-24110W-FR. 

NO SUBSTITUTIONS. 

PYROTRONICS MODEL TRI-B6D ADDRESSABLE INTERFACE SWITCH MODULE 
WITH SQUARE D TYPE KP12 RELAY MOUNTED IN PULL BOX. FURNISHED 
AND INSTALLED BY CONTRACTOR. 

END OF UNE (1/2 WATT 24K U.O.N.) RESISTOR. FURNISHED AND INSTALLED 
BY CONTRACTOR. 

SQUARE PULL BOX 4 1 T/t6T -* UNLESS OTHERWISE NOTED. 

EXISTING TERMINAL STRIP CABINET 
EXISTING ADDRESSABLE TERMINAL CABINET 

ADDRESSABLE OPEN AREA SMOKE DETECTOR FURNISHED AND INSTALLED BY 
CONTRACTOR. '-XXX' REPRESENTS THREE DIGIT DEVICE ADDRESS ONLY. 
CONTRACTOR SHALL TAG DETECTOR HEAD AND BASE WITH COMPLETE SIX 
DIGIT 0EV1CE 'ADDRESS (INCLUOiNC LOOP AND DEVICE NUMBER) 
AS SHOWN ABOVE. THE SINGLE DIGIT NUMERAL INDICATES DETECTOR TYPE, 
MODEL | AND INSTALLATION DETAIL AS FOLLOWS: 

- PLENUM MOUNTED (IN FRONT OF RETURN AIR GRILL) PYROTRONICS 
MODa #FP-11 PART #500-095112 WITH BASE #08-11 PART 
#500-094151. NO SUBSTITUTION. 

-SUSPENDED CEIUNG/DRY WALL MOUNTED PYROTRONICS MODEL #FP-11 
PART #500-095112 WITH BASE #D8-11 PART #500-094151. 
NO SUBSffrUTlON. 

- SURFACE MOUNTED (FOR OPEN CEIUNG AREA ONLY) PYROTRONICS MODEL 
#FP11 PART #500-095112 WITH BASE #DB-11 PART #500-094151. 
NO SUBSTITUTION. 

EXISTING SMOKE DETECTOR IN SUSPENDED CEIUNG TO BE REMOVED 
AND CEIUNG PATCHED. 


EXISTING SMOKE DETECTOR TO 'REMAIN. 


EXISTING FIRE ALARM SPEAKER IN SUSPENDED CEIUNG TO 8E 
REMOVED AND CEIUNG PATCHED. 



(|) EXISTING FIRE ALARM SPEAKER TO REMAIN. 


EXISTING STROBE TO REMAIN 


AREA WITH UMITED COVERAGE. 


EXISTING CONDUCTOR TO REMAIN. 

EXISTING FIRE ALARM COMBINATION 
STROBE/SPEAKER TO BE REMOVED, 
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